RULEs]

OF SOUTH CAROLINA

1485

count or incurring of penalty. (Filed, secretary state's office-August 4,
1937.)
Rule 12. Change in Character of Service. In case any substantial
change is made by the utility in the gas pressure or other service con-
ditions which would affect efficiency of operation or adjustment of ap-
pliances, the appliances of all consumers in the district affected shall be
readjusted by the utility for the new conditions without charge. (Filed,
secretary state's office-August 4, 1937.)
TESTING
Rule 13. Definition of a Cubic Foot of Gas. When the gas itself is
to be tested under these rules, a cubic foot of gas shall be taken to be
that amount of gas which occupies the volume of one cubic foot when
saturated with water vapor and at sixty degrees Fahrenheit and under a
pressure of thirty inches of mercury. For purpose of measurement of gas
to a consumer a cubic foot of gas shall be taken to be the amount of gas
which occupies a volume of one cubic foot under the conditions existing
in such consumer's meter as and where installed. (Filed, secretary state's
office-August 4, 1937.)
Rule 14. Testing Facilities. (a) Each utility shall, unless specifically
excused by the Commission, provide such laboratory, meter-testing equip-
ment and other equipment and facilities as may be necessary to make
the tests required of it by these rules or other orders of the Commission.
The apparatus and equipment so provided shall be subject to the approval
of the Commission, and it shall be available at all times for the in-
spection or use of any member or authorized representative of the Com-
mission.
(b) Each utility shall make such tests as are prescribed under these
rules with such frequency and in such manner and at such places as is
herein provided or as may be approved or ordered by the Commission
unless otherwise directed by the Commission, the methods and apparatus
recommended by the National Bureau of Standards in the latest edition of
its Circular No. .48, "Standard Methods of Gas Testing," may be used.
(Filed, secretary state's office-August 4, 1937.)
METER ACCURACY AND TESTING
Rule 15. Meter Prover. (a) Each utility furnishing metered gas service
shall own an approved type of meter prover, preferably of not less than
five cubic feet capacity, equipped with suitable thermometers and other
necessary accessories, and it shall maintain such equipment in proper
adjustment so that it shall be capable of determining the accuracy of any
service meter to within one-half of one per cent. Each such meter prover
shall be so placed that it will not be subjected to drafts or excessive
temperature variations.
(b) The accuracy of all provers and methods of operating them will
be established from time to time by a representative of the Commission.


